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EXPERIMENTAL FACILITY SIMULATES CONTROL ROOM OF LARGE AUTOMATED THERMAL POWER 
STAT ION 








Shanghai DIANSHIJIE [ELECTRICAL WORLD] in Chinese No 4, Apr 82, inside front cover 


‘Text] The Acheng Relay Plant in Heilongjiang has built China's first large 
capacity thermal power comprehensive automated simulation facility which has 
recently gone into operation. This laboratory was constructed to simulate the 
performance of a large-scale thermal power plant and can also test and verify 
is well as inspect automated power station faci’ities and thermal generating 
‘quipment under simulated operating conditions. -It will provide a great boost 
to the development of China's generating equipment manufacturing industry. 





Mathematical simulation 
section of the facility. 











PT | Physical simulation 





section of the facility 





























COMPUTER SUPERVISORY SYSTEM FOR ZHENGZHOU NETWORK 
Beijing DIANLI JISHU [ELECTRIC POWER] in Chinese, No 6, 5 Jun 82 p 78 


(Article: "Computer Monitoring and Control System for Dispatching for the 
Zhengzhou Power Supply Network" ] 


[Text] The Zhengzhou Power Supply Bureau has implemented computer on-line 
monitoring and control of four 35-kilovolt substations, three 110-kilovolt 
substations, one 220-kilovolt substation and some of the equipment of one power 
plant within the prefecture. The system uses the domestically produced DJS-131 
model single computer system with a total of 22 functions, including 45 frames 
of color displays. They include: 


I. Normal Display 

l. The main connecting lines of each substation. 2. The loads of each planc 
and each substation. 3. The tidal current of the main power network. 4. Total 
addition of power in the Zhengzhou Prefecture. 

[l. Warning and display for accidents and abncrmal situations 

>. Overload warning. 6. Forecast signals and warning. 7. Accident warning 

and recording. 8. Display of the main line for final operating method after 

an important power line has jumped the switch. 


IlI. Control 


9. Three cut-off devices of open loop control. 10. Initiation and cut-off of 
the capacitors of two substations by closed loop control. 


[V. File management 


ll. Plans for relay protection at each substation. 12. Sampling schedule for 
the main transformers. 


V. Tabulation and printing 


13. Two tabulating devices can print 176 quantities for producing tables and 
tor accident records. 








Other functions 


14. Printout of the displays on screen. 15. Revising non-dynamic quantities 

in the ;icture on screen. 16. Sustaining 15-second displays of dynamic parame- 
ters or displaying fixed dynamic states. 17. Standard time display. 18. Ad- 
justing for standard time. 19. Remote measured data processing. 20. Auto- 
matically starting the preparatory tabulating device. 21. Automatically start- 
ing the internal programs. 22. Dynamic inspection of the telekinetic interface. 


The entire system began operation at the end of last year ‘remote measurements, 
remote communications of quantitites of data all began operation last August). 
to the end of February of this year, the system's rate of utilization was 

3.3 percent. The average down time was 373 hours. 


The system performed the 22 functions described above (including the display 
ot 45 trames). They have served a definite function to improve the level otf 
management of the high voltage power network and to improve the conditions for 
‘Te operation of the power network and the quality of electricity. They have 
:lso accumulated experience for further realizing automatic control in the 
future. At present, the reliability of the system must be further improved on 
the present foundation and practical economic results must be further achieved 
continuing to expand the function of the monitoring and control system 
including economical dispatching and operation. 


CSO: 4013/97 














SOME PROBLEMS IN THE ANALOG-DIGITAL INTEGRATED TELECONTROL MONITORING AND 
AUTOMATIC GENERATION CONTROL SYSTEM 


Nanjing DIANLI XITONG ZIDONGHUA [AUTOMATION OF ELECTRIC POWER SYSTEMS] in 
Chinese, No l, Jan 82, pp 37-47 


[Article by Jin Zhendong [6855 .182 2639] of the Nanjing Automation Research 
Institute: "Some Problems in Combined Digital-Analog Remote Monitoring and 
Control and Automatic Generation Control System (CAS)"] 


[Abstract] This article discusses the two main systems 

in the automation of power network dispatching, i.e., the 
feasibility of integrating the safety monitoring and con- 
trol system and the system for controlled automatic 
generation and analyzes the c»nditions and ways to realize 
integration. It also gives a brief introduction to the 
integrated digital-analog controlled automatic generation 
system and safety monitoring and control system (CAS) 
developed for the Beijing-Tianjin-Tangshan Power Network. 


The definitions of abbreviations frequently used in this 
article are: 


SCADA monitoring, control and data gathering, or remote 
monitoring and control 


AGC Automatic generation control 
EDC Economical dispatching control 
LFC Load frequency control 

[Text] I. General Description 


Safety monitoring and control and controlled automatic generation of electric- 
ity in the power system, including automatic frequency modulation and economi- 
cal operation of the power network, are the two main tasks in the automation 
of power network dispatching. The research subjects of these two tasks are 
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ji:terent. The tirst involves research in data gathering, data transmission, 
iata processing, output and display for power networks, with special emphasis 
the study ot gathering data on operating conditions during accidents. 
Such efforts enable the power system to operate safely. The latter studies 
load disturbance during normal operation of the power network, controlling 
the generated output of electricity according to the principles of automatic 
regulation and the standards for economical operation so that the generated 
output of electricity of the power network follows changes in the actual loads, 
so that the frequency of the power network and the clock error will be within 
specified range and so that the operating cost of the power network can be 
kept low. This effort enables the power network to operate economically. 


Because the research subjects are different, therefore these two tasks have 
traditionally been two separate categories. As a result, two completely 
unrelated systems of equipment to realize these two tasks have emerged. The 
first is called the safety monitoring and control system for a power network 
(Betore the mid-i960s, it mainly involved telemechanics). The latter is 
called frequency modulation devices or frequency sodulation systems for a 
power network. Because these two tasks are both heavy, therefore each has a 


very huge systen. 


Betore the mid-1960s, every nation emphasized the study of automatic generation 
control for power networks in studying the automation of power network dis- 

itching, and a lot of work was done. A relatively complete theory was formed 
ind many types of devices and systems for automatic generation control were 
uilt. In 1965, after the major power failure of the northeast power network 

the United States occurred, each country shifted attention from studying 
iutomation of power network dispatching to safety monitoring and control of 
power networks. How to utilize digital computers and telemechanic technology 
to realize safety monitoring and control of power networks became the key 
research subjects. Therefore, safety monitoring and control systems, including 
telemechanic systems developed rapidly. But the equipment of these two types 

systems duplicated each other, the channels were crowded, and many conflicts 

were formed. People thus asked whether these two systems of traditionally dif- 
terent categories could be combined. 


technology developed, people renewed their study of these two tasks and 
ey discovered that on the basis of new technology, it was possible to com- 
these two tasks that seemingly were completely different. Therefore, the 
States began exploring this question after 1965 and deveioped new auto- 
ted dispatching systems, such as the direct digital-analog dispatching 
tem, the direct digital monitoring and control system, and the combined 


remote monitoring and control and automatic generation control system (II). 
whether these two systems of different categories can be combined and how can 
be combined are questions that are discussed in this article. 


The Question Regarding the Method of Establishing an Automatic Generation 
ntrol System for Power Networks 


Aut iti reneration control for a power network (AGC) used to be called auto- 
equency modulation and economical operation. It can be realized by 
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[The main characteristic of the scattered autematic generation control system 
is the emphasis on reflecting the frequency deviation value Sf (basis tor 
frequency regulation) of the power network required by the load of the power 


network and the incrementai rate . Tat yr the power necworKk (Dasis tor the 


economical distribution of active power), both automatically measured by AGC 
equipment in the power plants of the network. The output of each of the 
penerators of a plant is regulated accordingly. Because the incremental rate 


(coal consumption, water consumption) of the gererators is known, therefore, 


is long as the Af and /Afdt measured by each plant are consistent, this AGC 


System can control the operation of every generator in the power network when 
the incremental rates are equal, and the quality of the irequency of the power 
network can be guaranteed. The main starting point proposed by this system is 
that it does not utilize channels for information transmission. All automatic 
regulators on the generators can operate according to established patterns and 
they are mutually unrelated to avoid affecting the operational reliability ot 
the equipment due to malfunctions in the information channels. This AGC 
system was once widely utilized in the Soviet Union [2]. Our nation also did 
i lot of work in this regard. The simple blceck diagram ot this system is 
shown in Figure l. 

When using a scattered AGC system, the problem ot combining the SCADA system 
ind the AGC system does not exist because the two are unrelated. 


Yet, the AGC system has some problems in principle and in practice that are 
ditticult to solve. One is the problem of errors in the measurement of Af 


ind. <ftdt  . Because consistency in the measurement of the frequency dif- 
terence ‘\f at each power plant is impossible, the values of / Afdt are 


ditterent, and they affect the economical distribution among the power plants. 
he second problem is tha* correction of line loss of the power network cannot 
be considered because calculations of line corrections are a system-wide 
vblem and they cannot be done locally at one power plant. The third is 
that power exchange on communications lines cannot be controlled, thus the 
power between the systeins of the joint system cannot be regulated according 
to the frequency dafference in the power network and according to the tele- 
communications bias code (TBUL). These are the main shortcomings of this AGC 


Syvsten. 


Figure 1. Scattered AGC system 
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‘ rtheast power network also studied an AGC system similar to this type 
r ture 
ire the scattered AGC system, this centralized AG( system requires 
ial innels tor the transmission of ommands. When the channels are 
wded, there are ma yractical problems that are difficult to solve. In 
iditi », because we want to avoid mistaken adjustment when the channel is 
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ints must carry out integration at the same speed. 


This requires 
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The Trend in Combining the SCADA ystem ana the aAwWt system 


The function of the SCADA system that is similar to the function of the AGC 


em is remote adjustment, mainly giving manual! commands. 


ince the 1970s, commands sent out tor remote adjustment by the SCADA system 
ave all been transmitted in codes. It is a time sharing principle. There- 
re, regardles yt whether it is cyclic data transmission or poiling, the 

les cannot transmit ntinuous quantities (/(kAf+Ap)dt) of load requirements 
eded in the centralized AGC system described above. And because of this, 

st SCADA systems and AGC systems were separated and even today, they are 


separated in many nations. 


mputer technology and telemechanic technology develop, we find that these 
two ditterent systems can be combined in many aspects. For example, the real 
ime data needed by the computer used for economical dispatching and by the 
mputer tor safety monitoring and control are the same. As long as the speed 
nd the storage capacity of the computers are sutiicient, it is possible to 
combine the two. Also, for example, the vutput circuits of remote adjustment 
the SCADA system and the output circuits of the AGC system all control the 


arm bject (the power regulator of the generator). Because of this, since 
he 1970s, some penrers published in the United States have proposed the idea 


mbining the SCADA and the ACC systems, and a lot of work has been done. 


The typi l structure is shown in Figure 3. 
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‘ t Fig. 3 
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+. Controller of the memory bus 17. Drum word I/O multiplex connector 


». Channel selection 18. Display control 
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’. Magnetic drum ‘ 20. Printer drive 

5. Magnetic drum 21. Modulator-demodulator 

'. Bus of the multiplex connector 22. Drum word 1/0 terminal 

- Switch 23. Printer 
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12. Switch 25. External memory 
- Printer 20. Printer 
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The Way To Solve the Problem of Combining the SCADA Remote Adjustment 
} 


inel and the AGC Adjustment Channel 


it can be seen trom the above analysis that the main problem in combining the 
SCADA system and the AGC system is the compatibility of down line transmission 
information. The main conflict is the method of intormation transmission 


in the AGC system. If we insist on using the load requirement signal of the 
power network region in the transmission system of the AGC system, then because 
tois is a continuous signal, the two will not be compatible. Therefore, we must 
inze the load requirement signal that is continuously transmitted to an 
idjusted value signal transmitted on a time-shared basis (the total power of the 
wer plant or the value of the incremental rate of the power network) in codes 
ike the remote adjustment commands for local storage. The load distribution 
) * the generators within the power plant can be realized by the P-P curve 
‘rted trom the incremental rate curve or by the incremental rate curve. 
ong as this is done, the SCADA and the AGC channels can be compatible. 


ther words, to combine the two, the AGC system cannot use the traditional 
ethod of adjustment by the error signals or the incremental signals. 
(he economical superiority of integrating the SCADA system and the AGC system 
is obvious. ‘his integration can combine the computers of the SCADA system and 
uters of the AGC system at the dispatching center. [It can abolish 
irze number of special channels, reduce the number of interfaces between conm- 


ters and telemechanic devices. It can simplify the systems for receiving 


i tructions to adjust the generators at the power plants and at the power sta- 
i ¥ \lso, the reliability of transmitting regulatory signals is improved. 
use the fixed va:iue commands for remote adjustment transmitted by the 
DA system use caretully designed anti-jamming codes, its transmission reli- 


ilit is much higher than continuous commanas transmitted in the past. 


red t the transmission of continuous commands, time shared transmission 
justed values also has its shortcomings. The quality of adjustment is 


oorer than the former. The reason is obvious. The former is a 











l ioop system of continuous responses while the latter is a closed loop 
system of time share responses. Because of time sharing, there is a time 
delay froin the beginning of disturbance in the system to the sending of fixed 
value commands when compared to the continuous transmission of regional load 
requirements. This is equivalent to adding a nonlinear time delay in the 
closed loop regulatory system causing the quality of adjustment to drop. To 
guarantee better quality of adjustment, the cycle of issuing commands in the 
comprehensive CAS system should be limited. This involves corresponding 
regulations concerning the requirements of the speed of issuing commands for 
remote adjustment. 


V. A Concrete Method To Realize the CAS System 


In summary, it is possible to combine the SCADA system and the ACC system it 

the method of issuing adjustment commands in the AGC system uses the adjusted 
values of the generated output of electricity of the station whose power is 

beiny drawn or time shared transmission of the adjusted values of the incre- 
mental rate. We began in 1979 to develop a CAS system for the Beijing-Tianjin- 
Tangshan power network. But when constructing the system, the following problems 
need to be considered and determined. 


(1) The method to realize economical distribution and output among the 
generators. The distribution of output among the generators within the power 
plant originally could be based on the adjusted values transmitted to the 

power plant by the dispatching center and received by the special load dis- 
tributor. For example, when the dispatching station sends a command for the 
total yenerated cuipvct of electricity for the whole plant, we can set the so- 
called p-p function yenerator. If it sends incremental rate values, then we 
can set the so-called b-p function generator and obtain the numerical values 

of economical output of each generator at the time from the output of the curve 
generator and then transmit them to the corresponding p execution devices. 


[The use of p-p or b-p function generators at the locality is necessary for 
the power plants that have main steam pipes. This is because there are more 
combinations of generators and boilers and it is not easy for the dispatching 
station to grasp them at any moment, therefore they can only be adjusted 


locally. 


“ut, the function generator is still very cumbersome. The main pipes are 
present only in power plants with medium and small generators. This is because 
in the large power networks, medium and small generators do not modulate the 
frequency anymore. Therefore, the objects of control in the AGC system of 

the large power networks in foreign nations are mainly the generators of 

large hydroelectric power stations and new types of large thermal power sta- 
tions. Among these types of controlled objects, the generators can be directly 
controlled. The generators of over 100 MW of our nation's newly built large 
thermal power plants are all sei »*rator-boiler units. The dispatching center 
directly controls the gener: .rs and sends out the adjusted output values for 
the single generator. This eliminates the function generators and simplifies 
the equipment at the station under control. Bassed on this consideration, we 
discussed with concerned units and decided to let the central dispatching 
station of the Beijing-Tianjin-Tangshan Power Network directly issue commands 
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to control 19 large generators when we developed the CAS system for the Beijing- 
Tianjin-Tangshan Power Network. The benefit of doing so is that it simplifies 
the AGC equipment of the power plant and fully develops the function of the 
computer of the CAS system at the dispatching center. The shortcoming is that 
the time for this time-shared system to complete one cycle is longer than the 
time for completing one cycle in controlling only the power plants, and this 

may affect the quality of adjustment. 


(2) The method of constructing the circuit 


[The principle of designing the circuits in developing the CAS system is whether 
to use the digital computer to perform all AGC tasks (including EDC and LFC) or 
to use the digital-analog method to share the AG tasks. 


[In view of the load characteristics of the power system, the load can be 
divided into three types: One is the high frequency component that has a high 
frequency but a small amplitude. The second is the pulsed load with a fre- 
quency of from 10 seconds to 2 to 3 minutes. The third is the continually 
varying load, as shown in Figure 4 [Note]. 





/_ Load 
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The task of the AGC system is aimed at adjusting the second and third types of 
ids. The commands for the load of the third type should be issued after the 
computer has calculated its economical operation. Here, we will mainly dis- 


cuss which method to use in adjusting the second type of load. One method is 
to let the computer perform the entire task like the MEPPCC of the United 


- 


states. It uses two small computers. One is responsible for calculating 
economical operation and the other is responsib’e for sending the computed 
results to the various power plants under its control. But the task of the 














computer is heavy because to solve the load fluctuations with a cycle of 10 
seconds, the cycle for issuing AGC commands must be smaller than 10 seconds. 
For examp.e, in issuing commands to 19 generators of the Beijing-Tianjin- 
Tangshan Power Network, one cycle takes about 5.7 seconds and commands are 
issued continuously. In each interval of 5.7 seconds, the next load distribu- 
tion must be calculated again, and every 300 milliseconds, the cycle must be 
interrupted once to send the command to the telemechanic devices. Because 
the computer is not dedicated to a specitic function, it must also perform 
.tetv monitoring and controlling tasks. Therefore, in an automated dispatch- 
ing system that does not have two on-line computers in operation, it is 
reasonable to use analog computational devices to regulate load changes (LFC) 
that fluctuate every 10 seconds to 2? to 3 minutes. This means using the dizi- 
tal computer to perform the tasks of calculating the economical distribution 
once every few minutes and to send its adjusted value (EDC) while using the 
analog computing device to send proportional adjustment signals and incremental 
rate signals once every few seconds to realize LFC regulation. The quality of 
regulation of the digital-analog CAS system arranged this way will be better 
than that of the pure digital CAS system. 


(3) Contiguration of the Signals for Proportional Adjustment 


To reduce the amplitude of frequency fluctuation of the power network and 
hasten the speed of adjustment, the combined CAS system provides signals for 
proportional adjustment, i.e., kAf+Ap. The problem that needs to be studied 
is the relationship between this signal and the proportional signals in the 
power regulator of the generator, i.e., the locally measured Af. 


As analyzed in secticn two, locally formed Ar causes an inconsistency due to 
the precision ot measuring Af. This creates a problem of so-called competing 
for loads among the generators. Aiso, this proportional signal does not in- 
clude the exchange power of the communications lines. Therefore we cannot 
differentiate between the load disturbance of this system and the external 
system. Therefore, using locally formed \f signals as regulatory signals 
when Af is very small is not suitable. Using proportional signals (kAf+Ap) 
produced centrally at the dispatching center avoids the above shortcoming. 
3ut when using the locally measured Af signal as the proportional signal input 
to the power regulator, the speed of regulation can be faster because it is a 
signal that ,continuously reflects the change in Af. Therefore, the proportional 
iznals of the dispatching center and those locally formed should be rationally 
oordinated. When Af is smaller, the local Af signal should not function 
(i.e., designing a dead zone) and only the (kAf+Ap) signal sent by the 
dispatching center can function. When Af is larger, the function of both 
sivynals can be added. The result of such an arrangement guarantees the pre- 
ision of ‘Af and prevents the competition for the load among the generators 
ind it can also hasten the speed of adjustment. The frequency modulation plan 
rr the Beijing-Tianjin-Tangshan Power Network stipulates that the locally 
measured ‘f has a dead zone of +0.05HZ. 





Jl. The Design Principles of the Analog Computational Device in the Combined 


The main task of the analog computational device is to track the variable 
ilsed loads of the power network and perform LFC regulation. 
r 
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According to domestic operating experience and foreign documents [4], the main 
tasks of AGC are as follows: 


1. To maintain the frequency f of the power network at a constant value, (In 
our nation, it is set at Af |<+0.2HZ) ; 





2. To maintain the exchange power p of the communications line at the planned 
and stipulated value; 


3}. To distribute the power among the generators of each subregion of the power 
1etwork according to the principles of economy. 


In the CAS system consisting entirely of digital computers, these three require- 
ments are included in the output commands issued for the single generator by the 
system. When using an analog device to perform the LFC function, this device 
mainly solves the first two tasks, but in the course of adjustment, the 
principle of economically distributing the load must also be manifested. When 
performing LFC adjustments, the combined CAS system functions according to the 
revulatory criteria 


AP, + (kAf+AP) +sf (kd f+Ap)dt= 0 


where s is the constant for the speed of integration and Ap, is the load 
deficiency of the system. 


To satisfy the above regulatory criteria, and taking into consideration the 
operating requirements of the power network, the design principles of the 
inalog computational device are: 


(a) to measure Af=f,-f with accuracy to +0.01HZ; 


(b) to measure Ap=- (p given --P, —-P5)5 


P,, Pp, are the power of two monitored communications lines respectively. 
i Ga 


(c) to calculate’ kAf+Ap; 
k is the frequency-power conversion coefticient 


(a) to calculate sai + Ap)dt: 
s is the integration time constant 


(e) to calculate the time pulse of the power network and the standard 
marking difference AT; 


(t) to judge the intervel of load distrubance. When a disturbance in the load 
of the local system occurs, the signs of kAf and Ap must be controlled, 
otherwise they should be opposite in sign; 
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(cg) When the load disturbance occurs in the external system, but 
f£ <0.2HZ, the Ap component in (kAf-Ap) should be controlled and made 
equal to zero to support the external system. 


(h) When |AT!20.4 second |AT|<-0.4 second, correct the value of fj: 


AT2+0.4 second, f£,=5002 
\T<-0.4 second, f£,=4998 
(| AT) <0.4 second, f ,=5000) 


to automatically correct the clock error. 


(i) adjust the sign of Ap according to the direction of flow of power on the 
communications line; 


(h) kAf+Ap and S/(kAf+Ap) dt are sent to the remote adjustment transmitter 
via the interface, AT is sent to the display. 


In the CAS system we developed for the Beijing-Tianjin-Tangshan Power Network, 
we followed the above principle to design the analog computing device. We 
need to explain that the analog computing device couwputes and sends digital 
quantities (3-digit BCD codes). It is called analog because its control prin- 
ciples are similar to the controlling method of an analog computer. 


VIL. The Question of Economical Distribution of Power Among Generators of 
the Combined CAS System 


The purpose of issuing commands directly to the generator is to simplify the 
AGC execution devices at the power plant and to eliminate the function generator 
so that the AGC devices at the power plant can operate in a fixed state. Yet, 
the incremental rate curve of the generator must be stored in the memory of 
the computer of the CAS system at the dispatching station. When using the 
analog computing device to send unified adjustment signals, how can we solve 
the problem of economical distribution of power among the generators? To solve 
this problem, we f.rst study the approximate expression of the incremental 
rate curve of the generator. Related reference [5] points out, the b-p curve 
of a generator can be simplified to and approximated by the broken lines of 

to 3 segments shown in Figure 5. The principle of using approximate broken 
lines is to make the area under the broken line and the curve equal. 


The relationship p=f(b) on the broken line described above can be expressed . 
as 
.,,=p_,ta,(b.. ,-b, 
Pitt Poi if i+] i? 
where Pos is a certain starting point on the broken line segment. In the 
CAS system, this is given by the computer or the dispatcher at a fixed time. 
a is the slope of that broken line, a =p ,/Ab, . Therefore, this relationship 


‘an be realized by the receiver of AGC commands on the generator. The method 
to realize this is to control the input resistance of the /(kAf+Ap)dt branch 








of the amplifier according to the output voltage (representing the adjusted 
value of output of a certain generator) of the end level amplifier after D/A 
conversion, i.e., changing the amplification coefficient to simulate the slope 
of the broken line of the b-p curve. The circuit diagram is shown in Figure 6. 


When the output voltage of the end level amplifier is smaller than the value 
equivalent to the value of POL? the analog switch connected to R connects. 


[The amplification coefficient of the P, branch is R,/R.. When it is larger 


b 


the analog switch connected to R, connects, and the amplification 


than 


1 
When it is larger than P 


Po’ 


coefficient becomes R_/R the analog switch con- 


1° 02’ 
nected to RS connects, and the amplification coefficient becomes Re /R,> 
respectively corresponding to the slopes of the three broken line segmerts. 
Atter using this circuit, we can realize an economical distribution of output 
among the generators during LFC regulation. 


/, 
i 4 
i Figure 5. b-p curve of the steam turbine 
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. Brief Description of the Pr 
: System 


he Circuits of the Combined 


inciples or 


Since 1979, we have developed a digital-analog CAS system for the Central Dis- 
itching Station o: the Beijing Administrative Bureau of Electric Power acco-d- 
ing to the theory described above. It includes system of two SD-176 computers 
nd an interface with telemechanic devices, an analog computing device, a fixed 
value setting console, a control modulatcr-demodulator, and a multiplex 
switch for connecting with the frequency channeis, SZY-30l:n type remote 
idjustment signal transmitter, and terminalis cto control 19 generators at 
] power plants. The configuration is shown in Figure 7. 
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Figure 7. Combined CAS System 
. Double computer system 12. Frequency modulation control console 
2. Telemechanic interface 13. lin SZY-30 control and adjustment 
3 SZY-30 remote communications transmitter 
ind remote testing receiver 14. Analog computing device 
‘ High frequency channe] 5. To power regulator of generator 
». Remote communications and 16. Modulator-demodulator 
remote testing transmitter 17. AGC receiving circuit of generator 
6. Telemechanic interface i8. Multiplex switch 
. Analog panel 19. SEY-30 control and adjustment 
*. Generator output receiver 
4. Reverse transmission ot! 20. To remote control execution panel 
remote control 21. High frequency channel 
0. Computer interface 22. High frequency channel 
‘T display 
Because this is a huge closed loop system, its main principles are briefly 
t "ribe in the tollowing. 
The lin type SZY-30 remote control and remote adjustment transmitter is 
designed to receive remote control and remote adjustment commands of the 


the 


omputers, manu 


the LFC 


analog 


signals of 








set remote 


itrol and remote adjustment commands, 


device. 


(a) Computer issued AGC commands. 


The SZY-30 remote control communications and adjustment transmitter is connec- 
ted to the SD-176 by 21 information lines. Among them, the computer has 12 
iddress and data lines to telemechanic devices, 2 object command strobe pulse 
lines, 1 remote control command execution line, and 1 computer breakdown 
signal line. The telemechanic device has 1 notification line to the computer 
to notify the completion of transmission of the object command, a notification 
line to allow execution of remote controlled operation, an overflow signal of 
the incremental rate integrator of the analog computing device, a notification 
line to notify format error of the object command issued by the computer, a 
notification line to notify a breakdown in the renote adjustment transmitter. 


The method of issuing commands by the computer is to send the plant number, 
the generator number (during remote control operations, it is the nature of 
remote control) to be regulated, and the adjusted value (switch number) via 

\2 address and data lines in two batches to the remote control and remote 
idjustment receiver. The first batch includes the plant number and the number 
of the generator to be regulated remotely, (or the nature of remote control 
operation). The second batch includes the adjusted value of remote adjustment 
(or the switch number of be remotely controlled) totalling a 3-digit BCD code. 
The time for sending the data twice is about 10 us. After the plant number 
has been received, the SZY-30 remote control and remote adjustment transmitter 
ind receiver will control the multiplex switch according to the plant number 
ind connect the output of the modulator-demodulator to the corresponding high 
frequency channel. After 20 ms, the channel stabilizes and transmission of an 
idjusted value command to the object begins (or remote control operation com- 
mands). When transmission of this command is completed, the computer is 
notified via the corresponding interrupt request line. The computer then 
repeats the above procedure and sends out the adjustment command for the next 
ject. When the computer performs only the EDC task, it only sends the out- 
tut value of economical distribution to all the controlled objects at fixed 
intervals (for example, once every five minutes). When it also perfucms the 
UFC task, it will issue a command every 300 ms to all controlled objects 


back and forth in a cycle. 
Manually issuing AGC commands 
is is performed on the remote control and remote adjustment operating con- 


it includes the plant number for remote control and remote adjustment, 
\aracteristics of control and adjustment, the nature of the remote control 


dNeration (jump switch controller), the number of the generator to be remotely 
recsulated, and the 3-digit BCD code (remote control switch number or adjusted 
ilue for remote adjustment). In remote control operations, execution com- 


inds are issued only after double checking (The computer issues a remote 
| command only after the telemechanic device has checked and sent back 
the siznal. The computer is notified via the execution allowed line to issue 


the execution command) Because the central dispatching station of the 

Bei jing-Tianjin-Tangshan Power Network does not require remote control opera- 

tions, therefore only a remote adjustment value setting console is used, i.e., 
frequency modulation control console. The console provides a switch to 

swit ver between manually issuing commands and automatically issuing com- 


iter). 














commands issued by the analog computing device 


[The analogy computing device performs one sampling and computing operation a 
second. The proportional adjustment signal kAf+Ap and the incremental rate 


si nal s| (kAf + Ap)dt are sent to the remote control and remote adjustment 


transmitter. The frequency modulation control console has an analog computing 
‘evice connected to the control switch of the remote contro! and remote 

ijustment transmitter. When in the input position, the analog computing 
device performs the LFC command sending task. 


When the analog computing device issues commands, actually, the control and 

adjustment transmitter opens the multiplex switch in cycles, and sends the 
t 

three digit BCL codes and their sign digit of kAf+Ap and sf (kd f+Ap)dt 

trom the analog computing device to all the AGC command receiving circuits at 

the power station. Then, after digital-analog conversion, the codes are sent 

to the AGC command receiving circuits of each generator. After multiplying 

by appropriate amplification coefficients (for proportional adjustment signals, 

they are determined by the regulatory characteristics of the generators; for 

incremental rate signals, they are determined by the slope of the broken lines), 

they are combined with the fixed output value given by the computer or manually 

established to torm a combined numerical value for EDC and LFC and the output 

is sent to the power regulator of the generator. 


[The method of issuin, commands by the analog computing device is to issue two 
commands to each power plant. The first time, the proportional adjustment 
ynal k'\t*Ap is issued. The second time, the incremental rate signal 

s) (kA f+ Ap)de is issued. When the rate of transmission of information at the 
time of issuing the commands is 200 baut, the two operations require a total 

9§ O18 seconds. The Beijing-Tianjin-Tangshan Power Network has a total of 7 
frequency modulation plants. Therefore, one cycle requires a total of 5.6 
seconds. When the rate of transmission is 300 baut, the cycie time is 3.8 
seconds. The output of the time difference (AT) of the analog computing device 
is displayed on the screen of the frequency modulation control console. The 
value P_ of the communications line is also set on the frequency modula- 


ion control console. 
(d) The tormat for issuing remote control and remote adjustment commands 


The remote control and remote adjustment device is a star-shaped structure with 
1 channel switchover type l:n structure. In the CAS system we studied for the 
Beijing-Tianjin-Tangshan Power Network, n=15, but during the design, we were 
prepared to expand it to 31. One command consists of two words. The first is 

1 synchronous word, the second is an object word. In remote control operations, 
intormation for the action of the object relay must be sent back via the 

SZY-30 remote telecommunications and remote testing transmitter. After check- 
ing that it is correct, execution commands are issued automatically or manually. 














When performing remote adjustment operations, commands are executed together. 
Each word has 28 bits. The information format of the synchronous word and 
the object word is shown in Figure 8 








synchronous word format 


O~ 1B 2~5 8B 6~ 17B 18 ~ 27B 
— if | ; ] 
Control and | Nature of remote | Number of object to 

adjustment control or number 





| be remotely control- | 10-digit BCH 4 bit 
characteris-! of generator to | led or adjusted | checking code "9" 
be remotely | value for remote 
adjusted | control 
i _j| i 


tics 








object word format 


We will briefly explain the format of the object word in remote adjustment: 
In the characteristic digit of remote regulation (OB1B), Ol represents a 
positive fixed value of remote adjustment, 11 represents a negative value. 
This is necessary for the LFC signal. The AGC signal receiving circuit of 

the generator controls the polarity of the proportional adjustment signal or 
the output of the analog quantity of th« increment of the incremental rate. 
The number of the generator to be remotely regulated has 4 digits, 0000 is not 
used, thus a total of 15 generator numbers can be decoded, i.e., for each 
power plant, the active power of a maximum of 15 generators can be regulated. 
There are 10 supervising digits (18B-27B) of the BCH excess code format. The 


; 10 9 6 5 3. 0 ; . 
polynomial generated is G(x) = x +x +x +x +x +x the sma!iest hamming 


{istance dmim = 5. 
The rate of information transmission is 200 baut or 300 baut, the channel is 
in upper sound frequency used repeated. 


Here, we need to explain the priorities of the various types of methods of 
issuing commands. In the CAS system, manually issuing commands and issuing 
commands by the computer are switched over by a switch and the priorities 

ire both higher than issuing LFC commands by an analog computing device. When 


the computer performs the EDC command issuing task and the analog computing 
levice is performing the LFC task, then whenever the computer issues a com- 
nand, the command issuing circuit of the analog computing device is locked 

ind the incremental rate integration circuit is cleared. When the computer 
has completed issuing commands, the cycle ot issuing LFC commands is restored. 
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M. everal Problems That Need To Be Explored 


he CAS system developed for the Beijing-Tianjin-Tangshan Power Network includes 
terminals which have passed computer control tests in the labcratory. This 
svstem has already been sent to the sites. But there are still some problems 


| 


that need to be explored further in practice. 


Ji 


(a) The problem of the quality of adjustment in the time shared regulatory 


SVstem 


Because AGC signals are issued and transmitted on a time shared basis in the 

CAS system, when the computer performs LFC tasks, issuing one cyclic command 
rejuires 0.3 second x n (n is the number of generators under control). For the 
19 generators of the Beijing-Tianjin-Tangshan Power Network, this amounts to a 
total of 5.7 seconds. This means, the adjustment signal received by the regula- 
tory circuit of the controlled generators is in response to the disturbance 
signal of several seconds ago. Also, only the sum of the adjustment signals 
after one cycle equals the disturbance value AL, this is equivalent to adding 

i transfer function in the regulatory system: 


—_— € f - ” , 
(PI)=—— (ai tare le a of Bo e-1) A) (see appendix), 


What limitations does this have on the period of the cycle of issuing commands 
requires further analysis. 


When the analog cowpucing device performs LFC, problems also exist in selecting 
suitable amplification coefficients for the proportional adjustment signals and 
the amplification coefficients for the incremental rate signals. 


Because of the problems with parameters, we can only give the block diagrams 
for calculating the quality of regulation and their preliminary derivation in 


the appendix. 


(b) The problem of integration time in the incremental rate circuit in the 


, 


inalog computing device 


we should consider how long would integration by the integrator take to reach 

e full grid value under what frequency difference? This has to be determined 
in operation and practice by experiment. At present, it has been designed to 
make ten time adjustments beginning from 32 seconds to 320 seconds under 

\f, 20.2 HZ. Final determination can be made according to the change in At 
ind its duration only after the system has begun operation. 


xX, Conclusion 


The combination of the automatic generation control and remote monitoring and 
controlling systems for the power network is the trend of development in the 
automation of power network dispatching The method of combination explored 
in this article is relatively simple. ne combined digital-analog CAS system 
built by us and concerned units accordiig to this line of thought is 


. 
” 
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venient to realize and is easy to popularize. 


But this is a new attempt 


it needs to be improved further in practice by the Beijing-Tianjin- 


langshan Power Network. 
Appendix 


Derivation of 


the transfer function of 


the time shared command issuing system 


when the computer performs LFC functions. 


when we consider reducing the frequency modulating power plant of the power 


system to a generator, 
drawn follows: 


as 


then the block diagram of the regulatory system can be 


1. Time shared command issuing system 
2. Power regulator 























Block diagram of 





3. Steam turbine governor 

4. Power transformer and transmitter 
5. Steam turbine generator 

6. Load disturbance 

7. Frequency difference of power 


network 
Power system 


the regulatory system 


of the power network (thermal power 


plant) 


cause the 


S(P) is the transfer function of the time shared command issuing system. Be- 
computer is aimed at the load disturbance AL, after computing 
gain in output sent on a time shared basis to each of the 


L, the total 


ntrolled generator after being latched by the remote adjustment device 


equals AL. Therefore, 


adjustment device 
rorm 
computer, 


S(P) 


where ly ere © © © *# © © © 


-An 
id disturbance of 


each 


i the number of 


interval of 


njin-Tangshan 








increases stepwise. 
and considering the delay time a, of 
can be written 


409 


issuing commands by the computer. 
of 200 baut, m=0.3 5s 
Power Network. 


the output command sent to the equivalent value power 


to the stepped Laplace trans- 
the 


According 
the computing process of 
as: 


(9.8) m™P 
, 


(a, taser Haye Be Herre” 


are the ratios between the output gain at the time of 
generator and the total output gain, 


generators participating in frequency modulation. 


When transmitting at a 


econd in the CAS system developed for the Beijing- 








SOME PROBLEMS OF COMPUTER CONTROL SYSTEMS FOR POWER GRIDS 


Nanjing DIANLI XITONG ZIDONGHUA [AUTOMATION OF ELECTRIC POWER SYSTEMS! in 
Chinese, No 2, Mar 82, pp 17-21 


(Article by Liu Jue (0491 6030] of the Nanjing Automation Institute of the 
Electric Power Ministry: "Views on Some Problems Concerning Computer Control 
Systems for Power Networks’ |] 


(Text] 1. Achievements Realized in Computer On-line Monitoring and Control 
ot Our Nation's Power Networks 


Our nation's power systems have been using computers for many years. Most of 
the power networks above the provincial level are equipped with off-line 
computers and there are also many on-line computers for monitoring and control. 
The on-line computers for monitoring and control have been operating for over 
three years in the Beijing-Tianjin-Taagshan Power Network. The first phase 
on-line safety monitoring function of the East China Power Network has been 
evaluated and approved. The on-line monitoring and control system for the 
Northeast Power Network has recently begun opevation. Some provincial power 
networks have bezun to use on-line computer systems, some others have improved 
off-line computers used in the past for on-line information input to display 
on screen the real time status of the power network and have preliminarily 
realized complete monitoring functions. Some power networks have connected 
on-line computers and off-line computers, utilized the stronger computational 
function of off-line computers and the available capacity of off-line computers 
which do not have sufficient tasks to preliminarily realize the function of on- 
ine load forecasting for the power network. 


’ 


Our nation also introduced two sets of relatively complete computer monitoring 
ind control systems for power networks, i.e., the Japanese H-80E system of the 
Communications Bureau of the Electric Power Ministry and the Swedish C-7830 
computer system of the Central China and Hubei Bureau of Power Administration. 
[hese two sets of computer systems have relatively complete hardware and soft- 
ware accessories. Some experiences are also worth learning by colleages in 
our nation. 


kThis article was received in September 1981 








veneral, at present, many power networks above the provincial level have 

mputer monitoring and control systems. Color screen display has been popu- 
larized, adding new means for power network dispatching. Viewing the actual 
ichievements in the operation of the Beijing-Tianjin-Tangshan Power Network, 
jomestically manufactured computers can satisfy the requirements for on-line 
eration if they are well maintained. The average rate of utilization is 
ibove 98 percent. It is expected that the rate of utilization of dual computer 
systems after their completion can reach over 99 percent. In actual results ot! 
»peration, as long as there are channels, as long as telemechanic information 
is relatively complete, as long as telemechanic interfaces can satisfy the 
requirements, the completion of on-line monitoring-screen display functions 
will visibly increase the level of safe operation. The dispatchers of the 
Beijing-Tianjin-Tangshan Power Network already feel that they cannot do without 
yn-screen information. When the computer room makes a request to shut down the 
omputer for inspection and repairs or when transferring programs, dispatchers 
tten hope that the computers could be shut down at another time. The screen 
can reflect on-site information changes at any moment. This has served greatly 
in allowing the dispatcher to grasp the immediate situation in time and to 
indle abnormal situations in the power network. This attracts the attention 

the dispatcher more than information sent by the telemechanic devices alone 

to the console, and this helps him make faster judgements. This cannot be 
replaced by other means. 


Generally speaking, we have realized a lot of achievements. To further 
popularize the application of the computer in power network dispatching, we 
elieve the following problems still need to be conscientiously discussed to 
iin a unified understanding and to take effective measures so that it will be 


easier to realize greater achievements. 
II. Understanding Automation 


\t present, we cannot say that people in various sectors in our nation have a 
iSistent understanding of automation. In the automation of power networks, 
it is necessary to conscientiously explore what is the "suitable technology" 


. ’ ° . . 2 ° ' , 
uur nation’s present situation. Blindly pursuing advanced technology 


importing foreign models are a mistake, but the view that emphasizes our 
lation’s large population, the many problems of unemployment, the fact that 
ir nation is poor at present and it is not the time to popularize the appli- 
ion of computers is also harmful. 


iter system is not only a high-speed computational tool, it is foremost 
in information processing system. Some people have pointed out that modern 


’ 


tion tools can be basically divided into three major categories: machines 


(machine tools, textile machines), power machines (generators, steam boilers) 
information machines. Information machines are centered around computers, 
ling the acquisition, transmission, storage and processing of information. 
ime illed intormation processing systems. Now, as technology progresses, 
rmation processing technology has penetrated and combined with other pro- 
tion tools day by day, and at the same time, it has penetrated management. 
Modern management cannot be said to be true management if it is separated from 


ion processing technology. Some people abroad say that centralization 


rmation and distributed control are the current direction. There are 


ry ¢ > ns ror this. 














Tie dispatching center of a power system itself is an information processing 
center. It is an agency that makes judgement, decisions and commands according 
to the current state of operation and the forecasted change in the power net- 
work. As the degree of complexity of the power network increases, relying on 
the telephone alone to carry out dispatching obviously cannot satisfy the 
demands. The main means of dispatching in our nation at present is based on 
telemechanic equipment assisted by the telephone. As the degree of complexity 
of operation increases, as the amount of information increases, it is very dif- 
ficult for dispatchers to make timely and correct judgements. Some people 
abroad even say that when the amount of information reaches a definite degree, 
the infcrmation will hinder him in making decisions rather than helping him 

in the course of processing, or the information will confuse him. But 
artificially reducing the amount of information will cause him to make wrong 
decisions. Therefore, when the power network technology develops to a definite 
degree, intrcduction of the computer is a necessary trend. Only the introduc- 
tion of the computer can make possible the other important function of control- 
ling the power network--safety control. T.E. Dyliaco once said: The difference 
between modern power network dispatching and traditional power network dis- 
patching is whether there are the various functions uf safety control. It is 
because of the requirements of this factor for real time data and the amount 

of information to be »vrocessed that fundamental changes have been brought about 
in the design of computer systems and man-machine systems. 


Our nation's present computer systems to control power networks have realized 
in zeneral only the preliminary functions--i.e., the functions of monitoring 
the status of the power neiwork and display. There is still a long distance 
from the requirem_ots of safety control and economical control. Even so, we 
have already seen the strong life force of computer control of power networks. 
The etforts spent over these several years are entirely worthwhile. We can 
say: The computer of the power network is no longer a thing that may or may 
not be necessary. It should be an indispensable condition like the communica- 
tions system and the telemechanic system of the power network. We suggest the 
leading departments establish necessary technical policies and it would be best 
to write them intc laws or regulations, this means, stipulating the minimum 
automated functions that a power network dispatching station of a certain 
level and certain scale should have. Investment in the automation of dispatch- 
ing stations should occupy a definite proportion in the construction of power 
lines and substations. Of courses, at present, the nation is in a period of 

idjustment, there is difficulty with capital, and it is not possible to do 
too much at once. But we should draw up unified plans under conditions of 
limited capital, and solve the problems of equipping each network in phases 
and in batches. To do this, the leadership at each level and the management 
lepartments must unify their understanding of automation and exert efforts to 
rasp it before it is possible to realize. 


lll. Planning and Design Problems 


To grasp automation of power networks well, we must first grasp the planning 


of the automated system and engineering design. In these regards, foreign 
experience is worth our attention. The course of realizing automation of the 
power network by the Quebec Hydroelectricity Bureau in Canada spent a total 


of 10 years from formulating ideas to making them a reality. We can see their 


) 


f~ 





time distribution: It spent more than a year studying the future method of 
operation of this power network and its automation, and making suggestions on 
the fundamental requirements of the dispatchers and on how to satisfy these 
requirements. Then, it carried out preliminary designs. It took three years 
for the designs to be drawn and win approval. 


Then, more than two years were spent preparing bidding and technical documents 
and bidding and signing the contracts. The time between signing the contracts 
by the manufacturers and delivering the equipment lasted three years. The 
time between test runs and final operation took one year. Of course, this 
system was large, including whole sets of automation equipment of one central 
dispatching station and 7 regional dispatching stations, all newly built. The 
dispatching center being used at present will be replaced by a new dispatching 
center. Although the above example is relatively far from our efforts, and we 
cannot carry out automation projects of such a large investment at present, 
but we can see one point here, that is, their work of the early stage took up 
60 percent to 70 percent of the total time while manufacturing equipment and 
test runs took only 30 to 40 percent of the time. Our situation is the oppo- 
site. The work of the early stage was done roughly and the time was short. 
Some problems lacked overall design considerations, we were more anxious in 
purchasing actual equipment, and because there are many types of automation 
systems and equipment, and because they come from different manufacturing 
sectors, frequently the user has to make the interfaces himself, write his own 
programs, and even write his own software such as the operating system or make 
improvements. Thus, although the equipment has been delivered, it is incom- 
plete, and the equipment cannot work in coordination, or the software is 
incomplete, and the functions cannot be performed. As time passes, the equip- 
ment can only be displayed and it cannot develop practical results. The 
beyinning hopes have been deflated, and the equipment now becomes the material 
of criticism by those who oppose automation or people who do not understand 
automation. This is not a unique case. Even units that have done well have 
encountered difficulty in further development after one piece of equipment had 
begun operating and had realized practical results because of the lack of 
strict engineering design at the beginning. Although a lot of work has been 
done in theory for new functions, it is difficult for them to be quickly 
utilized. 


[here are historical reasons for the above situation. At the beginning, we did 

not have practical experience in systems automation. We were in a stage oft 
ientific research and in the test point stage. We could only carry out the 

projects one by one, and equipment was difficult to purchase, and there were 


io units that could contract the work of the whole project. The users had to 
put everything together piece by piece. Computer manufacturing departments 


did not develop user programs, and even systems software was very incomplete, 

- it could not meet the user's requirements, therefore it had to be changed. 
lhe capital for automation had to be solicited from various channels, and it 
would be canceled if the project was overdue. Therefore, it was not possible 
to have a lot of time to carry out work of the early stage. Also, because of 

he many changes in the elements of the plans, too many details were considered 
it the beginning and frequently they could not be realized, therefore, plans 


ind designs were not given sufficient attention, the designs did not have any 











legally stipulated re-ults, and one could only take one step at a time and 
ong range considerations were lacking. 


At present, power network control technology has gradually advanced from scien- 
tific research towards practical use. When considering building an automated 
system for the dispatching center of power networks, we should first do the 
design work of the early stage well. The user should invest a lot of effort. 
Now, manufacturers or engineering companies of other sectors have indicated 
they can contract the entire automation project for the power system. This 
enthusiasm is good, but frequently it underestimates the complexity of the 
entire project, because automation of power systems afterall involves a broad 
scope, professionalism is very strong, and there is yet no concrete practical 
experience in building one project for the external system. Abroad, some manu- 
facturers or engineering companies can contract all the engineering work, but 
they have a long history of experience in producing power equipment, they are 
more familiar with the power systems themselves, and there are many experts in 
power systems, even so, the power companies themselves, as users, must also do 
a lot of work in the entire process. They must completely understand the 
situation of their own sysiems, propose the functional requirements for their 
own systems by combining with rea'ity, they must select various related sub- 
systems, such as data gath-ring systems, preprocessing computer systems, main- 
frame computer systems, man-machine interface systems, software functions, 
etc., they must establish well detailed technical conditions, and conduct 
detailed inspection in the future design process, and test and approve all 
system interfaces and the scope of all detailed designs. Besides inspecting 
the accuracy of the design in the stipulated functions, the methods of testing 
and inspection, intenance of performance and considerations of future needs 
tor development shou'd also be included. There is a lot of work. 


Considering the actual situation in our nation at present, there is a definite 
difficulty for every power administration bureau to invest such huge efforts, 
therefore, scientific research and design units of the departments of electric 
power should gradually form forces that can carry out the task of automating 
the power system by themselves. In fact, they are equivalent to an automation 
engineering company or a technical service company. They should have a 
detinite strength to develop equipment to solve some special needs, and more 
importantly, they should have a definite degree of understanding of the power 
system itself and the various types of automation equipment, and they should 
Se able to provide technical consultation or services to the users, select 
ippropriate equipment for a certain automation project, build the system, 


match the interfaces, and carry out the task of developing major applications 
software. In this way, we can more quickly accumulate experience and provide 
high quality technical services to the users. Such work is part of scientific 


research but it is not entirely scientific research. More importantly, it is 
engineering practice. Their achievements are not manifested mainly in 
developing some new method (of course work in this aspect is not shunned), but 
in how to apply their own mature equipment and methods in the actual power 
system so that practical results can be realized. We believe this method of 


work can promote progress in the automation of power networks. 
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iV. Near-Term Goals 


In view of the present situation, the monitoring function of the computer 
system of power networks has already entered the practical stage and the 
results are good. But afterall, these are still preliminary functions. To 
truly develop the effects of the computer system, a lot of work still has to 
be done. 


First, the foundations for communications and telemechanics must be grasped 
well with a lot of effort. Some power networks cannot develop the function 
of the computer system because telemechanic information is incomplete. In 
large inter-provincial power networks, how to form a stratified and graded 
management system for the information network has become an urgent task. 
Plans should be conscientiously drawn up well. New varieties of telemechanic 
devices should also be produced to adapt to this requirement. The pure CDT 
method can no longer satisfy the requirements. Artificially intelligent 
telemechanic devices based on the microcomputer will be utilized more. Net- 
work structure will also develop from the pure dot to dot method to more 
complex methods to fully utilize the communications channels (such as coaxial 
lines, exchange networks, star networks). The standardization of the format 
of telemechanic data transmission has already been included in the daily 
agenda. The standards proposed by the Huangshan Conference in the past have 
served greatly. But it is feared that they will not satisfy future require- 
ments. If we do not grasp this in time, an unavoidable consequence will be 
that the devices will not have a common language, the interfaces will be 
complex, and they will not facilitate development. Our instivcute has proposed 
a draft of the preliminary standards based on preliminary stgyestions made by 
1EC and we have requested concerned units to discuss it. Data communications 
between computers of corresponding levels will also be used in certain power 
systems. The communications protocol should also be included in standardi- 
zation as early as possible. At the same time, we should stipulate the func- 
tion and the limits on the division of work for computer communications net- 
works and telemechanic information networks. 


To turther develop the function of the computer system in power networks, each 

unit is doing a lot ot work. More theoretical and experimental work has been 

done in status derivation and important achievements have been made. It is 
yped that’ they can be put to practical use as quickly as possible. First, 

we should establish a real time data bank that has been status derived. Then 
e tunctions related to on-line tidal flow, safety analysis, accident predic- 

tion and improvement of system safety can be matched on this basis. As we 
mphasize energy conservation, the economical operation of power networks 

will surely be pushed forward with a lot of effort. There are also many new 

theoretical achievements in this regard which can be utilized. Automatic 

frequency regulation should be one of the basic functions of the computer 
‘stem. But considering that the operating cycle is relatively short (several 
seconds) and the high requirement for reliability, under present conditions, 

it seems better to establish another independent subsystem. The subsystem 

can be varied so that microprocessor systems can be broadly utilized. 


‘specially after the 16-bit high performance microprocessor appeared on the 








\nother important tunction is the recording and statistical function. They 
ire very incomplete at present, and they have not functioned as they should 
have. Alchough there are no theoretical difficulties in these functions and 
they can greatly serve to improve the level of operations management, but at 
present, they are incomplete perhaps mainly because the capacity of the 
computers is insufficient, or the information is incomplete or maybe they are 
not emphasized enough. In general, such functions should be placed at an 
important position in the next phase of work to develop their potential. 


To do all these well, hardware support of presently available systems may be 
insufficient. In particular, internal memory and the capacity of external 
memory are weak links. Planning and design must be conscientiously done well 


to propose solutions. 
V. Some Prcblems Concerning Computer Systems 


At present, the several large power networks use different types of computers, 
but they can satisfactorily perform the current functions of monitoring and 
display. It is ditticult to propose any requirements to unify them because 

ot the difference in the scale of the systems and the difference in functions. 
[The requirements for computers for ordinary dispatching centers (of a capacity 
of over 5 million kilowatts) proposed abroad at present can be generally sum- 
marized as follows: 


~-the dispatching station itself usually utilizes a bi-level (i.e., with pre- 
setting) double work system connected to the computer center. 


--the speed should bi guaranteed at 2 to 2.5 seconds so that all on-line data 
of the system can be scanned and inspected once. 


--the expandability of the memory ac least should reach 64 to 128K (16 bits). 


--tloating point hardware. 


~-quick response to interrupt functions. 


--restart according to internal or external signals after the computer has 
been shut down as a result of malfunction. 


-~internal memory protection function. 


~-repeat execution function after detecting malfunction ‘can be accomplished 
by software). 


~external memory capacity should at least be over 2000K (actually far surpas- 
sing tis number), and there should be two types of external storage. One type 
is the magnetic drum of fixed head magnetic disk to store information that 
requires a faster storage and access speed. The other type is the moveable 
head m. tic disk to store information that has a lower frequency of use and 
that can respond at a slower speed. 





In view of the above requirements, the main conflict of domestically produced 
computers already in use is that the internal and external memory capacity is 
small. Each unit is developing new high performance domestically produced 
computers. They can continuously enter the market. It is believed that the 
hardware can gradually adapt to the needs of the power network in the future. 
When gradually expanding the functions of currently available computer systems, 
currently available computers can be used as front-end terminals. Some 
systems are considering this. But we must conscientiously consider the plans 
for related interfaces when realizing this. Most of the provincial power net- 
works in our nation are equipped with off-line computers. To fully develop 
the function of off-line computers, some power networks have already used 

them as backup for on-line computers and good results have been achieved. It 
is suggested that concerned manufacturers also summarize this experience and 
directly produce such hardware and software interfaces for the user to facili- 
tate popularization so that more can be done with less money. 


The double computer system as a means to improve the utilization rate of con- 
puters will be used by many power networks. It is suggested that manufacturers 
and users strengthen research in some of the problems such as plans for opera- 
tion, function sharing, switchover methods, software support so that the dual 
computer system can fully develop its gain. Computer manufacturers can only 
provide some standard hardware accessories. Solving the mutual relationship 
between the software of dual computers and the mutual relationship between the 
operating systems is frequently more complicated than hardware, and according 
to different user requirements, frequently the interface between the software 
and the operating system will be affected. This is a very important content 

in systems design. It can be done well only by full cooperation between the 
user and the manufacturer. There are such reports abroad: "The typical con- 
figuration of the computer manufacturer cannot completely satisfy user require- 
ments, and this frequently occurs. For example, the power system requires 
satety control functions and data gathering that include status estimation. 

AGC and man-machine links have the same usefulness, but in practice, they have 
been reduced to non-key functions and they do not meet the initial require- 
ments, therefore the responsible power engineer is very worried."' This should 
not be neglected in considering plans for the dual computer system. 





Some of the real time operating systems of domestically manufactured computers 
it present are directly transplanted from abroad, some have been the result 

ot rebuilding the computer on the foundation provided by the manufacturers, 

ir some have been developed by oneself, but in general, they can all satisfy 


the basic needs in operation. When evaluating an operating system, we should 
t unilaterally pursue the perfection of the functions or the advanced nature 

1! one item. We should first consider real time requirements. We cannot 

spend too much and thus reduce the response characteristics of the entire 
stem. Therefore, some characteristics that are effective in general purpose 
puters such as internal dynamic distribution and the use of virtual memory 


need not be overly pursued in control mechanisms. We should decide whether 
they are needed or not based entirely on the concrete requirements of the 
system itself. Management of the data bank should also suit the requirements 
real time data processing. It should not be overly complicated and versa- 
tile. In addition, in the course of linked computer operations, developing 








riu- is not a simple question. On the surface, developing programs can 

be via the management of backup operations to reduce on-line interference, but 

wil! on-line functions that cannot be completely simu- 

lated or debugged in backup. Therefore after the backup has been debugged 
goes into front-end operation, a slight carelessness may produce destruc- 


tive results. For this, we must take special measures to prevent such happen- 


a l Wavs be some 


rnoe 


ings. These are not necessarily included in the functions of standard opera- 
ting systems. We need to cooperate with the manufacturers to find a plan for 


> 4 iC 1on. 


Screen display has already been widely utilized 
the reason that computer monitoring and control 
because the use of color CRT has served a major function. There are many units 
that currently producing and developing CRT. We believe the light grid 
scanning dot matrix CRT can satisfy the needs of the power system for a time 

in the future because it is low cust and software support is relatively easy. 
Other more complex graphic displays can suit some special needs. The next 

step should be to utilize higher density image tubes on the present foundation, 
expand the types of Chinese characters and graphs, and perfect the tracer, the 
photopen or keyboard accessories. Some other editing functions should be con- 
sidered without overly increasing the cost. The function of moving graphs is 
welcomed by users, but in use, this function occupies more of the computer's 
load and internal and external memory and such resources, and when it is not 
absclutely necessary, it should not be overly pursued. The total number of 
graphs of currently operating systems is not large, and the response time does 


in our nation. We can say that 
are welcomed by dispatchers is 


are 


not seem to have any problems, but as the number of graphs increase (such as 
100 to 200 or mor. graphs), editing, revising and accessing graphs must 
utilize external memory. The response time will be visibly increased, and if 


it reaches more than 4 to 5 seconds, then it would be intolerable. Now, 


st Le still 
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computer manufacturers 
management program suitable 
the user to develop it himself. 
computer models to develop some 
convenience can be realized for 


has always been a 
ianutacturers to provide 


user. [In general, after 
manpower and invest it 
the user can only compile a 
« developed very well. Some se 
illed practical software) have 
about many difficulties 
m the 


most important stages. 
programs . 
‘omputation. 


the 


(or various 
method oO! 


raid 


weak link. 
applications programs has increased the burden of the 
a computer is purchased, 

into programming. 
little at a time and the gain of the system cannot 


From the beginning, 
input, output, 


The design plen 
method of storage and access, 


have not equipped their products with a 
for use by power systems. It mainly relies on 
If users can be organized to combine several 
standard CRT management software, then a major 

future users. 


Problem Concerning Software 


The traditional inability of domestic 


the user must organize a lot 
If the strength is insufficient, 


some domestic computers (also 
functions and this has brought 


rvice software ot! 
insufficient 


in developing programs. 


course of writing software, analysis and design stages should be the 


the state should stipulate the 

tables, revision of tables and 
determined by the structure of the 
the structure of the tables and 


is 








documents, the requirements of data revision, and reserve requirements. All 
hardware and software interfaces should be labeled in detail. Regulations 
should also be stipulated for others such as initialization procedures, CRT 
and printout record formats, maintenance requirements, testing methods and 
inspection standards. This work is often not emphasized enough domestically 
and the work is very generalized. The computers lack explanatory documents, 
and thus later the systems become confused, and finally readability of the 
programs and maintainability are affected. A program written by one person 
is frequently difficult to revise by others later or it is difficult to add 
some other functions to the program. In the future, scientific management of 
the method of software engineering should be popularized. 


fo hasten the progress in program design, it is suggested that specialized pro- 
gram design teams be organized to develop some applications software packages 
suitable for use on various types of computers. For example, the BBC company 
has applications software packages aimed at power systems of various scales. 
[They have such basic functions as data gathering, data bank organization and 
output display. Hardware and software are configured for such systems as the 
BECOS 03-30 which is suitable for small scale centralized control systems and 
ror large scale centralized regulation systems. The user can select the 

system that suits him. 


To solve the problems of exchange and transplanting of programs for different 
computer models, it is suggested that some programs with more complex methods 
»f computation should be written in high level languages as much as possible. 


Some years ago, most of the on-line control programs abroad were written in 
compiler languages. But in recent years, the proportion of using high level 
languages has greatly increased. Viewing the trend, FORTRAN or variations 

ot FORTRAN that have real time functions is still the most widely used language. 
in consideration of the fact that domestic computer language systems are also 


being prepared, we should consider whether we can unify them on the foundation 
ot FORTRAN as much as possible so that some programs can be easily exchanged 


ind transplanted. It is suggested that some units organize and establish joint 
working groups to coordinate and exchange programs well. Of course, trans- 
planting programs should be rewarded to encourage the enthusiasm of program 
writing units. 


ihe above are some views concerning the problems of computer systems for power 

network control. They may very well be unilateral or even mistaken. It is 
ped that they will attract the interest of concerned sectors to discuss, to 

onclusions and to propose some practical and feasible measures. Then 

ie power network control technology will suit the development of the power 

works much better. 


. 
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DISPATCHING AUTOMATION FOR EAST CHINA GRID 


Nanjing DIANLI XITONG ZIDONGHUA [AUTOMATION OF ELECTRIC POWER SYSTEMS] in 
Chinese, No 7, Mar 82, pp 22-30 and 21 


fArticle by Xu Desen (1776 1795 2773) ] 
‘Excerpts] I. History and General Situation 


fhe "automated dispatching plan for the East China Grid" drawn up in 1976 called 
for the establishment of an independent and reliable system of channels that can 
satisfy the demands of automation of dispatching tor the power network and that 
can perform telekinetic functions to control power plants and power stations. 
The plan also called for the establishment of an information gathering system 
for the power network and a computerized real-time data processing system. The 
goal was to gradu>lly establish a computerized digital transmission network and 
to establish such automatic control functions as safety monitoring, safety 
analysis, economical dispatching, frequency modulation and voltage modulation 
ror the power grid in stages. 


The East China power grid is divided into three dispatching levels, a central 
dispatching station, a provincial (or city dispatching station where the central 
lispatching station is located) and a prefecture dispatching station. Their 
relationship in the future is illustrated as follows: 


Because the area is expansive, the fundamental work to establish the channels 
ind information gathering is more difficult. Besides the original carrier 

waive circuits, sound frequency cables and channels leased by the post and tele- 
communications sector, we have installed 106 kilometers of sound frequency 
‘ables in the Shanghai area, 46 kilometers of sound frequency cables in the 
Shanghai area, 46 kilometers of a high frequency cable from Xijiao to Huangdu, 
66 kilometers of a microwave circuit in suburban Shanghai, and 547 kilometers 
ot microwave circuits from Shanghai to Hefei over the past few years. Those 
being built and in preparation are the microwave circuit in the Shanghai suburbs, 
ind the microwave circuits from Hefei to the north of the Huai River, from 
Shanghai to Xuzhou, and from Shanghai to Wuxijiang. At present, all of the 
provincial (municipal) dispatching stations and power plants and stations 
directly dispatched by the central dispatching station have to varying degrees 
been equipped with channeis needed for communications and transmission of tele- 
kinetic information. In the Shanghai area, the sound frequency cable and the 
suburban microwave circuit will gradually form a ring grid. 











Il. Characteristics and Evaluation of the System 


l. The programmed command type telekinetic equipment is connected to the com- 
puter in a versatile manner. Its adaptability is strong. For example, remote 
testing of cycles was changed from the original 3 bits to 4 bits, 18 commands 
were changed, the upper and lower voltage limits were changed, 19 commands 
were revised,.....These have provided convenience for the computer interface 
and software processing, simplified the programs for the computer processing 


system of computers with limited speeds and conserved memory units. 


2. The performance of the computer system is checked via many parallel chan- 
nels and an automatic restoring system has been added. This has improved the 
reliability of the real time system. 


3. Completion of the DJS131/TQ-16 on-line system provided the possibility 

tor running one-line scientific analysis programs, and on the basis of improv- 
ing the reliability of the TQ-16 computer, different tasks with a relatively 
hizh requirement for precision have been run using different programs. This 
has created conditions for further developing the functions of the system. 


4. The operating system provided by the 100 series computers is more mature, 

it is more convenient to use and it is more versatile. The application soft- 
ware is closely combined with the actual needs in dispatching, and the operators 
are happy to use it. 


In November 1979, the 220KV gate of the waterside power line malfunctioned and 
caused interruptions in the power grid twice. 


The telekinetic equipment acted accurately and won time for the dispatchers 

to rapidly judgethe situation and to handle the situation in time. The voltage 
and cvcles of the small system were kept normal and the occurrence of a power 
blackout over a large area was avoided. In January, 1980, the 220KV output 
line voltage of a certain power plant changed, causing 13 220KV switches to 
jump the gate. Telekinesis completely recorded the time when the switches 
jumped the gate and the tidal current of the incident, (the resolution of 

the time of the switch action was 20 ms), the color CRT displayed the central 
parameters of the plant in time and completely reflected the operating condi- 


tion during the incident at the power plant and during the course of processing. 
This tacilitated handling of the incident and served monitoring and guiding 
tunctions. 


‘Secondary on-line" load estimates are provided four times a day. When weather 

ind climatic conditions suddenly change, generally, all of the errors are 

within the allowable range. This also helps to guide the personnel on duty 

rasp the load patterns of the system. 

The channels and telekinesis of the East China power network have a weak founda- 
tion. The computer system also needs to be further perfected. There are still 

many difficult tasks to be done. 
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The purpose of automation of dispatching for a power system is to effectively 
increase the managerial and operating level of the dispatchers on duty so that 
the power network can operate safely and economically at any time and provide 
superior quality electric power. Within the next few years, new localities 

of power source and power transmission lines with an even higher voltage class 
wiil emerge in the East China network. The technical problems of operating 
the network wil! be more complex. Even higher demands will be placed on auto- 
mated operation. Our purpose is to develop the capability to perform on-line 
safety analysis of a static system from the present stage of "monitoring 
satety' and to develop to varying degrees the ability to realize economical 
{ispatching, anticipation of accidents, display of countermeasures and auto- 
matic trequency modulation. Voltage modulation will also be developed so that 
we can conduct local automatic control tests at places such as hydroelectric 
power plants where the strength of automation is stronger. To achieve this 


, 


oal we must adhere to the following: 


lL. We must establish a reiatively perfect microwave system as the main system 
and a carrier wave system as the auxiliary system in the main network. The 
revions where a dispatching station has been established must lay a system of 
channels consisting of ground cables, carrier wave channels and microwave 
channels. The error code rate of the channels should reach a magnitude of 
10O-/, 


2. We must establish an information gathering system that is suitable for 
uniform dispatchia, «nd split level management. The principles of installation 
t telekinetic equipment and the type of control must adhere to the setup 


DS 


illustrated in Diagram 12. 


3. We must set up a computerized digital transmission and communication net- 
work using the same model of computers, and we must set up a multiple unit 
processing system that meets the demands of dispatching duties so that the 
system can have a better adaptability and usability, so that the system can 
react well atter a definite period when the equipment is down-graded or so that 
the svstem can react well to compatiblity when the software and the hardware 
hanze in generation. Undoubtedly, the idea of using computers of a single 
del is reasonable in developing the functions of software and hardware 
esources and concentrating efforts to develop software and hardware applica- 
tions systems that suit the unique characteristics of this power system so 
that it can quickly form a productive force. This is aiso suitable tor the 
hast China power network. 


JO series computers used by the East China power network at present have 

their international counterparts that are being rapidly developed, such as 
the ECLIPSE, the MV-8000 which are high grade computers of this type. The 
command system and the systems software are completely compatible. The domes- 
tically manufactured DJS-14C computer (64K to 128K) has already began produc- | 
tion. The sottware system of that computer system is relatively complete and Vi 
it is equipped with real tine high leve! languages. This is also a favorable 

ndition for the development of the system. From the viewpoint of technical 
ind economic comparison and the rationality of the system, I believe that it 


~ 
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is possible that a system similar to Britain's CEGB system will emerge in the 
future which will move the massive on-line applications, scientific management 
software development tasks and computational tasks of the control center to 


the computational center of the electric power research departments. 


The development of on-line applications programs for the power system is 
relatively difficult and it requires the support of advanced hardware systems. 
Foreign nations have invested a lot of "man-years" in such endeavors. The 


East China power network has organized concerned higher educational institu- 
tions, schools and scientific research units in 1978 to do some work in this 
revard with help from the Ministry of Electric Power and the Shanghai Munici- 


il Science Committee. In general, the subjects have been the following: 


* Estimation of the on-line status of the power system; 
Recognition of the on-line network structure of the power system; 


x On-line load estimation of the power system; 
* Safety analysis of the on-line stationary state of the power system; 


* On-line economical dispatching (local) of the power system; 


ad 


xk Study of the on-line data bank of the power system. 


According to plans set for the next 2 to 3 years, we will collect about 1,000 
parameters related to the main network. The number of DJS-131 computers has 
already been increased to 3 units equipped with magnetic disks. They use the 
digital transmission type telekinetic interface JK». On this basis, the "on- 
line safety monitoring" function will be exparded and strengthened. A man- 
machine conversation system equipped with a photopen and a tracking ball will 
be used. On-line economical dispatching tasks will be performed on the second 
DJS-131 computer, (in the near-term, it is only an open loop type, commands 

re manually produced). The DJS-131/TQ-16 on-line computer system will be 

ed for daily scheduling of dispatches and will perform safety analysis tests. 
he 100 series digital transmission and communication controller will be used 

test points to test the performance of the digital transmission network. 

rough idea described above still has to be proven and to materialize in 
iture planning and designs. 


nclusion 


e work to automate dispatching in the East China power network is only a 


inning. Construction of this system involves a broad scope, its policy 
iture is strong and its investment is large. Each step presents a problem 
necting the preceding with the following. Planning first is very 
rtant. On the other hand, because the foundation is poor and the techni- 


es are weak, the forces of the various sectors must be organized well 
ind joined together to carry out the work. The central dispatching station 
ist China received indispensable help from the Electric Power Sciences 
\cademy, the Nanjing Automation Institute, the East China Electric Power 
veorimental Research Institute, the East China Electric Power Design Academy, 
r power networks and concerned higher educational institutions and manu- 
ji lants trom planning to the present. We appreciate their help. 














EXPERIENCE WITH ON-LINE OPERATION OF A POWER NETWORK COMPUTER REVIEWED 


Nanjing DIANLI XITONG ZIDONGHUA [AUTOMATION OF ELECTRIC POWER SYSTEMS] in 
Chinese, No 2, Mar 82, pp 31-33 


(Article by Chai Yuhe [2693 3768 0735] of the Automation Department of the 
Central Dispatching Station of the North China Bureau of Power Administration: 
"Some Experience With the Cn-line Computer of the Beijing Power Network"] 


(Text|] The SD-176 computer has been operating on-line for three years now. 
The Beijing Dispatching Center and the Nanjing Automation Research Institute 
have cooperated closely, conducted mutual exchange, and the on-line operation 
of the computer has progressed steadily. Three years ago, our goal was relia- 
bility and practical results. Reliability meant that the hardware of the 
SD-176 computer would operate steadily and the software designs would be cor- 
rect. Practical results meant that the SD-1/76 computer could truly serve 
satety monitoring ‘unctions. Now it seems that these two goals have basically 


been rea! ized. 


The guiding thought in our work was that after using a computer for on-line 
monitoring functions, it must withstand objective tests and truly deveiop this 
function. On the originally available monitoring function, we added 32/7 new 
switching functions in the monitoring function of the SD-176 cumputer in 1980. 
\fter these functions began operation, the Department of Automation estab- 
lished corresponding systems to guarantee that these functions were realized. 
At the end of that year, when the results of these functions were evaluated, 
the Dispatching Department and the dispatchers gave them an affirmative evalua- 
-~ion. 


outer on-line operation is a very difficult task. We must be extremely 
serious and conscientious in treating this work. 


[The Foundation of On-line Operation of the Telemechanic--Power Network 
( omputer 
[ believe that we must first do the work of celemechanics of the power network 
well before we can realize on-line computer operation in a power network. 


The SD-176 computer of the Beijing Central Dispatching Station has been con- 
nected to more than 20 telemechanic devices. (Recently, after the telemechanic 
interface is expanded, another 5 devices can be connected) and it can perform 


*This article was received in September, 1981. 
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Line processing of over 700 remote communications and remote measurements. 
179 alone, telemechanic devices were installed and over 100 remote 

measurements could be taken. In 1980, another 87 measuring points were added. 
This vear, the higher authorities have asked for nearly 100 additional 
measuring points. Starting ovt from the point of view of computer on-line 

peration, the demands upon the telemechanic devices are even higher. To 
nitor the operation of the power network, we should input a large amount of 
real time information into the computer but the information put into the conm- 
puter should be accurate and reliable. 


Atter a large amount of real time information has been put into the on-line 
mputer, the first problem that software personnel encounter in designing 
the safety monitoring program is the problem of processing real time informa- 

tion ot checking and measurement. Viewing our several years of experience, 
the kev is to build the telemechanic devices themselves well. Song Deyun 

$45 1795 0061}, former assistant chief engineer of the Beijing Dispatching 
Center talked about this after returning from the large power network confer- 
ence last year: When some people abroad talk about on-line operation of con- 
iters in a power network, they place a lot of emphasis on the reliability and 
curacy of telemechanic devices themselves. In remote measurements before 
installation of the SD-176, the dispatchers of the Beijing Dispatching Center 
it in front of a remote measuring console. This remote measurement console 

layed the total power of each power plant and the boundary points between 
the 220,000 and 110,000 power plants. For many years, dispatchers and comrades 


engaged in telemechanics have been debating over whether the remote measure- 
ments displayed on the remote measurement console were accurate or whether 
the meters at the site were accurate. 


\f'ter the computer began on-line operation, the direct view of the display on 
screen has helped us to discover this problem quickly: Some of the informa- 


ti ‘ff remote measurements sent to the Dispatching Center by the telemechanic 
evices in the field contained overly large errors when measured by 


irchhotf's law. For example, in our network, a certain 220,000 substation 


installed a WY7-II telemechanic device. This substation has two 220,000 
utput lines and one 220,000 transformer. Under certain operating methods, 
t re two lines can both send power to the transformer. Then according to 
Kirchhoff's law, the active values flowing into the two lines should be equal 


e active values flowing to the transtormer. But in the actual situation, 
inward tlow was tar greater than the outward flow. This showed that 
measuremeiuts of this telemechanic device were very inaccurate. We once 


ive months to calibrate more than 300 remote measurements at fixed 
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plants. Tuhe Power Plant does not have a directly distributed load line. The 
active power of the four generators and six 220,000 output lines can all be 
remotely measured. The power consumption by the plant constitutes 7 percent 
of the total output of power by the whole plant. In this way, the generated 
power minus the power consumed by the plant should approach the active power 
of the six output lines (neglecting loss in the transformer). 


It many of the remote measurements in the power network themselves contain 
large errors, then we cannot even talk about using status derivation. 


We introduced the comparative results of the remote measurements and the typical 
records of the dispatcher to the Dispatching Department. Finally, on the basis 
of Kirchhoff's law, we unified understanding and there were no more disagree- 
ments. 


The monthly cperating test system (remote communications) of the telemechanic 
devices has served well in preventing mistaken operations triggered by remote 
communications during accide-ts in the power network. 





The SD-176 computer has one function that monitors the current of twelve 
220,000 transformers in the network. When the current surpasses the specified 
value, the screen will display n automatic warning. We have a higher demand 
for precision of these remote measurements. For example, the main transformer 
of Gaojing No 4 is an auto-transformer. The common coil current of the auto- 
transformer will overload under certain operating methods. The specified cur- 
rent of the common coil of the main tra former of Gaojing No 4 is 5/3 amperes. 


Because comrades ‘involved in telemechanics at the Gaojing Power Plant conscien- 
tiously tested the transformer and transmitter, the difference between the 
values of remote measurements and the values indicated by the meters at the 
Site was very small, the largest did not surpass 5A, and the measurements have 
been deeply trusted by the dispatchers. Doing this work well requires spending 
a lot of efforts. But to establish on-line computer operation firmly, we must 


tighten the work of telemechanic devices. 


[l. Operating Rules and System 


According to the experience of on-line work of these few years, I believe that 
domestically manufactured computers can be used to carry out on-line operation. 
Atcer on-line operation has been established, we must establish various regula- 


tions and systems to standardize it. 


The Automation Department of the Beijing Central Dispatching Station has estab- 
lished: 


1. the operating procedures for the SD-176 computer; 


2. the system for computer room shifts and exchange of shifts; 

3. the software maintenance system; 

+. the system for monthly operating tests of telemechanic devices matched with 
the computer; 
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» the system for examining the accuracy of remote measurements; 
6. the system for reading dispatcher records at fixed intervals; 


7. the system of submitting notices for remote measurements and remote communi- 
cations. 


I would like to emphasize the last several systems in this discussion. The 
software maintenance problem whould attract our attention. According to foreign 
reports, among software designers in the world, 70 percent are invo!ved in 
revising software, and only 30 percent are designing new software. As the on- 
line monitoring function expands and real time information increases, software 
must frequently be expanded and revised. The revised text should be handed 

over to the computer room shift in time so that computer room shift personnel 
can refer to it. Revised programs must be tested for a period. If omissions 
ire discovered in the programs, the programs must be revised again until they 
are correct. 





Software maintenance in the stage of safety monitoring at the Beijing Central 
Dispatching Station also includes the compilation of statistics on the per- 
centages of co.rect action displayed on screen during accidents in the power 
network. For example: At 11:58 on 12 December 1980, the No 1 generator at the 
Dazang Power Plant malfunctioned and the switch disconnected. The screen did 
not display any action. (After the switching monitoring program became opera- 
tional, switch disconnections occurred many times at the Dagang Power Plant, 
the screen displays reflected the situations correctly and the program was 
praised by the dispatchers). Why did it not act this time? Software personnel 
isked the dispatcher on duty and found out that several hours before, reverse 
switching operations were performed at Dongbeijiao and Hangu and the computer 
screen display system reflected the situation correctly. Software personne] 
srasped this and immediately found the cause and finally discovered that the 
reason the screen did not reflect the switch disconnection of the No 1 generator 
at the Dagang Power Plant was not a problem of the computer itself but was 
caused by the breakdown of the WYZ-II remote measurement code transmitting 
device at the sending end of the Dagang Power Plant. (When designing the 
switching program, in order to prevent interference, changes in switching power 
were added as supplementary judging conditions when the switch was on or off). 


Je understood that the telemechanic personnel at the Dagang Power Plant did not 
nandle the remote measurement code transmitting device well that day, and we 
immediately revised the program and temporarily deleted the added condition 


udvement of power. 


\nother aspect ot the software maintenance system at the Beijing Dispatching 
Center is that every morning at 10 am, the position of the switches at the power 
station being monitored by the computer is inspected to see if it corresponds to 
ie position of the switches on the analog console. At present, the SD-1/76 dis- 
plays on a color screen the positions of more than 300 switches of 8 major power 
plants and thirteen 220,000 substations it monitors. Every switch being moni- 


tored must be consistent with the analog positions of the switches on the ana- 
lox console. The results of implementing this system were very good and a lot 
of experience has been accumulated. 


39 





. 13 Tune 1980, the power line poles of the double circuit 220 KV power line 
‘rom Tuhe to Tongzhou seriously fell. The screen display system of the SD-1/76 
computer correctly disconnected 4 switches and sent warning messages to the 
dispatcher. Afterwards, dispatcher Comrade Liu Wende [0491 2429 1795] talked 
to us. He said: "If the relay protection signal can be displayed during the 
accident, that would be even better. It will greatly help us in handling the 
accident in the power network." When we were preparing to test the input of 
relay protection signals to the celemechanic devices on the WYZ-II device at 
the Second Beijing Thermal Power Plant, comrades engaged in relay protection 
proposed different opinions. The on-line "experience" of the computer is still 
very shallow, and we must respect other people's opinions. But I believe com- 
rades engaged in relay protection will finally agree because it has already 
been realized abroad. 


At the Beijing Dispatching Center, a monthly remote communications and operation 
test must be conducted to test the telemechanic devices of the telemechanic 
operations system. This is a good opportunity to test the operation of the 
computer in monitoring the switches. Therefore, we established an operating 


system that joins telemechanics and the computer. 


Beginning from early last year, we made telemechanic remote measurements every 
five davs and we compared the measurements with the typical records of the Dis- 
patching Department. When we discovered that the remote measurements did not 
coincide with the stipulated requirements, we immediately notified the 
telemechanics group to find out the cause. Special personnel from the soft- 
ware group was assigned to take charge of this work. 


ill. Necessary Conditions in the Computer Room Required by On-line Operation 
of the Computer 
The computer room must possess the following conditions: 


There must be a source of uninterrupted electricity; 
femperature and humidity changes must not surpass a fixed range. 


3. There must be measures to prevent dust; 


There must be tire-proof measures. 
The four points above are minimum requirements. But our Beijing Dispatching 
Center cannot even meet these basic requirements at present. When delegates 
from the United States, France, Canada visited the computer room of the Beijing 
Dispatching Center, they unanimously believed that our power source is unreli- 


ible. This is a fact. <A 220-volt power source supplies power to the computer 
‘ia a voltage stabilizer. This is too unreliable. I believe that foreign 

nputers in on-line operation will never use this kind of power supply method. 
Because the low voltage network of the power network cannot operate in paral- 
lel, the Beijing Dispatching Center has only one line of power source. When 
the power source breaks down, the power source is switched over to another 
reserve |ine for power supply, but during the time of the breakdown and 








switchover, the computer receives a very large shock. To reduce shock, it 
"revisters" with the Beijing Power Supply Bureau. When the Beijing Power 
Supply Bureau inspects and repairs the power lines, it first notifies us and 
waits until we shut down the computer, then they perform the switch reversing 
operation. After the power supply bureau completes its operation, we then 
turn on our computer again. Before "registering", we suffered a lot of hard- 
ships. One day in the summer of 1979, power outage occurred 12 times (the 
bus of the Youanmen Substation malfunctioned, the Beijing Dispatching Center 
supplied power via the Qianmen power cable. When the load at Qianmen rose and 
surpassed the load capability of the cable, Beijing Power Supply Bureau then 
pulled the switch). That day, the voltage stabilizer of the computer burned 
out. Luckily, the power source switch of the SD-176 computer itself was 
reliable, otherwise the computer would breakdown. 


Beijing has strong winds and a lot of blowing sand. The computer room for 
the SD-176 computer does not have special dust preventing measures. The 
inserted boards are filled with dust and operating conditions are extremely 
poor. We installed a thermostat and air conditioning equipment manufactured 
in Qiangdao. But in summer, the air conditioner works poorly. In winter, 
two large electric heaters are placed in the computer room. The SD-1/6 
computer operates under such conditions. It is indeed not easy for the com- 
puter to operate at 98 percent capacity. The purpose of mentioning this is 
to emphasize that the user must create better conditions for on-line computer 
operation. One must be willing to invest in building a good computer room 
and one must not make do. 


At present, the computer room at the Beijing Dispatching Center will not undergo 
major changes unless a new building is built for dispatching operations. There- 
fore, next year, when two computers go into operation, although the situation 
rill be better than the present single computer operation, it will not be 
possible to greatly improve the operating rate. When the external power 

source is cut off, three computers will be threatened simultaneously. This 

is a serious problem that we will face. 


lV. Assuring Long Term and Reliable Operation of the External Memory 
(Magnetic Drum) 


(he American, T.E. DY. Liacco mentioned in his article ‘General Description 


: Control Center of a Power System": "In actual operating experience, most 
oreakdowns of the computer system can be overcome by simply restarting the 
mouter.'' According to our experience, his point is correct. Occasional 


terterence (endless looping of the program, odd and even checking errors in 
internal memory) can be overcome by restarting or the computer can con- 


tinue to operate by accessing a copy of the program from the magnetic drum. 
‘ithout a reliable magnetic drum, the computer will not be able to operate 
‘ine. During operation, the operation of the magnetic drum component must 


be fully kept in mind. As long as the magnetic drum component does not 
flown, it should always remain in an operating state. During the period 


breakd 


inspection and repair of the mainframe, the magnetic drum should not stop 
perating. Turning the magnetic drum on and off frequently is very detrimental 
the magnetic drum. The magnetic drum must be protected against phase 
interruption. We have installed an automatic phase interruption warning device 
mavnetic drum. 








V. Correctly and Rationally Utilize the SDX-II Display 


The practice over the past three years at the Beijing Dispatching Center proves 
that the design of the SDZ-II screen display device is successful. Operational 
experts of the large Catactan power network pointed at the analog console dur- 
ing their visit and said: "The method of electrical connections and the 
voltage level in the substation of your power plant are about the same as those 
in Canada 15 to 20 years ago. But your color screen display is pretty good. 
Color separation is good and the image is very clear." 


There should be special people to maintain the display screen. We must 
especially emphasize that it should not be moved or adjusted at will. The 
keyboard should be fixed on the table top. 


During the three years of operation, the two display screens of the dispatching 
station were used alternately every 12 hours. According to experts, using them 
in this way will not encounter any problems tor several years. A fan should be 
used to dissipate the heat of the screen if the noise of the fan does not 
aftect the work of the dispitchers. The base of the fan should have an anti- 
earthquake cushion. The computer room must have a reserve keyboard. 
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DJS-6 MINICOMPUTER USED IN ON-LINE OPERATION 


Nanjing DIANLI XITONG ZIDONGHUA [AUTOMATION OF ELECTRIC POWER SYSTEMS] in 
Chinese, No 2, Mar 82, pp 34-38 


(Article by Yue Zizhong [1471 1311 1813} of the Central Dispatching Station 

ot the Guangxi Power Bureau: 'DJS-6 Computer Begins On-line Operation; the 

Principles of Improving the Mainframe and the Interface Logic of Newly Added 
Peripherals" ] 


[Text] The DJS-6 computer is a small digital computer designed during the 
1960s. The internal memory is 32K, the word length is 48 bits, the peripherals 
include 4 G3 drums and it can use magnetic tape and disc drives. It has 62 
basic commands. It can send over 100 commands. Commands are divided into two 
categories, long and short commands. Address location includes direct address, 
indirect address, relative address, duplex relative address functions. The 
computational speed is 90,000 commands/second. 


The transmission of information by the DJS-6 computer uses the bus. The bus 
has 25 code lines DX, -- DX.) The bus for the address codes has 16 lines 
7, == dx, ¢- lt can realize parallel transmission of half word length. 

fhe computer at our station began off-line operation in 1974. To improve its 
rate ot utilizaton, we improved it and added some equipment and it began on- 
line power network operation at the end of 1979. After two years of test 
operation, we proved that the improvements were successtul. They are briefly 
described below in the hope that colleagues will point out the mistakes. 


[mprovement of the Mainframe 


improvement of the mainframe mainly involved the interrupt system and the 
command system. 


(he interrupt system of this computer originally had two types of four level 
priority interrupts. The two types refer to the simple interrupt and the 
program interrupt. The four levels are print and information interrupt in 
Simple interrupt and the internal error and external peripherals interrupt in 
the program interrupt. The external peripherals interrupt includes teletype, 
wide line, curve, fast punching. These four interrupts all belong to the same 
level. Whichever makes the interrupt request first is responded to first and 
it the same time the other interrupt requiests are masked. 
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The characteristics of simple interrupt: When an interrupt occurs, the com- 
puter needs only to execute one implicit interrupt instruction to complete 
processin? the interrupt request, i.e., it is realized entirely by the hard- 
ware circuit logic alone. Program interrupt mainly relies on shifting into 
an interrupt processing program to process it, i.e., the interrupt request is 
realized basically by the software. 
Obviously, the original interrupt system needs to be expanded before it can 
idapt to the needs for on-line operation. We added four levels of program 
interrupts of power loss, clock, special communications and screen display 
(recently, we also added a tabulation and print interrupt), thus forming an 
interrupt system with 8 levels of priority interrupts. Also, we improved the 
original implicit interrupt instructions for simple information to adapt to 
the needs of transmitting telemechanic information in on-line operation. 
Although the DJS-6 computer is a general purpose digital computer, the original 
design took into consideration the possibility of using it to process external 
intormation in real time. Therefore, a first level simple information inter- 
rupt was built into the interrupt system, and an "implicit interrupt instruc- 
tion tor simple information" was designed and included. An implicit instruc- 
tion refers to an instruction that has an execution process similar to the 
execution process of a standard machine instruction but it does not have the 
form of an ordinary instruction. Its operating codes correspond to the con- 
trolled electrical potential of different interrupts and its function is com- 
pletely hidden in the logic of the system of instructions. The execution time 
of this implicit instruction is a central cycle (about 11 microseconds). Its 
method of execution is typically cycle stealing. Therefore, we utilized this 
simple information interrupt to form the data channel for telemechanic informa- 
tion to enter the computer. But the function of the originally designed 
implicit instruction should not satisfy our actual needs, therefore we improved 
it. The major change was to bypass the random address memory as the pointer 

rr writing into the address of the internal memory and to directly form the 
internal address by the telemechanic interface and to send it directly to the 
internal memory before common operations initialize the internal memory, thus 
he writing of telemechanic information into the internal memory realizes 

eat assignment", completely avoiding chaos. 


L 
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Because of the newly added peripheral equipment, such as the color CRT, real 
ime clock, tabulating printer, therefore some new commands were added. Among 
the newly added commands, some were expansions of the original peripheral 
iipment commands, some were newly defined peripheral commands. The actual 
tions of the commands will not be discussed here. We will only simply 
the newly added "time check'’ command and the self-restoring circuit. 


the basic starting point of the self-restoring circuit is as follows: When the 
mputer ceases operation because of accidental causes, the computer will not 
execute the most fundamental fixed-time operated user programs, such as data 
onversion and clearing the CRT screen. At this time, regardless of whether 
the computer has ceased operating or is executing another program, the situa- 
tion is regarded as abnormal and it will have to be restored to normal. 








For this, in the self-restoring circuit, we designed a three-digit counter 
that will overflow when it counts to 7. The counting pulse is the second pulse 
produced by the clock circuit. The clearing pulse is produced by th “time 
check" instruction. We arranged that instruction in the user program with an 
execution cycle of 5 seconds for data processing or for CRT display. In this 
way, if the system is operating normally, the three-digit counter of the self- 
restoring circuit will at most be able to count to 5 and it will be cleared. 
lf the system is operating abnormally, then there will not be a clearing pulse, 
ind the counter will produce an overflow. The overflow signal will set the 
selt-restoring circuit, forcing the computer to execute a drum adjustment 
program pre-queued in the switch memory and the RTOS program copy will be 
accessed from the external memory and re-run. If the computer breakdown is 
purely an accidental jump (according to foreign data: accidental breakdowns 
‘onstitute over 70 percent of all machine breakdowns), then after such proce- 
dures, generally the computer will be able to operate normally again. If the 
breakdown is permanent, then after three consecutive automatic restoring 
ettorts, the alarm circuit is triggered, and the person on duty can interfere. 
[t can be seen that the self-restoring circuit is effective for accidents! 
breakdowns of the computer. Our operation and practice also prove that it 

can effectively improve the time of continuous operation of the system and 
reduce the down time. 


[l. Peripheral Intertace Logic 


Diagram 1 shows the general block diagram of the peripheral interfaces. The 
How Has Y,» Y, belong to the mainframe, all of the rest are interfaces. It 
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in generally be divided into four parts, the peripheral code bus, clock cir- 
uit, telemechanic interface, and CRT interface. They are explained separately 
De i WwW: 


“TT yT.7 Diagram 1 General Block Diagram of Peripheral 
= Interfaces 
=. 3 - 
— mo ops 1 Request screen display interrupt 
“ TT te 4% 2 Request clock interrupt 
: ions : ys 3 Request telemechanic interrupt 
. sd 
ahd . 
NOR pate TH: Electrical potential of station number 
jueuiny circuit Y NAND gate 
P electrical potential converter A Real time clock circuit 
‘ircuit Co Interrupt memory 
l¢ t Us 7 
, H» Address code bus 
eripheral code bus — eu a toe 
er code U SYJ: CRT input memory; PX: Screen 
iT divital code dm: CDT address code 


DB: Dot label 








-_ — 
Peripheral Code Bus 


This bus nas a total ot 16 lines, i.e., DXW. -- DXW, 5» this is based on the 


ordinary small computer and the standard word length of its terminals. For 
example, in this interface, CRT and CDT code lines are both 16 bits. 


5? Ye ~-YQ- When the newly added peripheral 
equipment transmits information to the mainframe, the information is first sent 
to this bus and then it is sent to the code bus of the mainframe. 


The peripheral code bus includes H 


2. Real Time Clock Logic 


In on-line operation, the real time clock is indispensable as a peripheral 
equipment. Our real time clock consists mainly of a frequently divider and 
some logic circuits that maintain blocking. 


The counting pulse of the frequency divider is a field scanning pulse produced 
by the CRT controller. The cycle is 20 ms. After 50 frequency divisions, it 
produces 1] second pulses. The second pulse goes to the mainframe and requests 
an interrupt to establish the time unit for the whole system. The hardware 
retains only time units less than a minute. Time units over a minute are 
counted by the software and are stored in the internal memory. 


3. This interface is a general purpose digital interface. It contains 16 
digital code lines, 5 address code lines, 1 request line, 1 query line, and 

|! clearing line. Therefore, no digital code surpasses 16 bits. Ail CDT 
devices with group codes not surpassing 5 digits (32 groups) can be connected 
to this interface directly or with slight modification. At present, the 
various types and models ot telemechanic devices manufactured domestically can 
all be connected. Therefore, this interface has a relatively strong compati- 
bility and adaptability. 


Accordins to our present situation, this interface has been designed to connect 
l6 telemechanic devices. But we thought of future development and paid fuil 
ittention to the expandability of the interface so that it can conveniently be 
expanded in a building block stvle. 


his interface mainly includes the queuing device, the digital code merging 
ircuit, and the address forming circuit. They will be further explained in 


>} + ) | 74 
ic? i ii Wity. 
(1) The queuing device 


[he queuing device includes a channel memory corresponding to the 16 CDT units, 
i dot label memory, a queuing memory and a queuing logic. 


[The main function of the channel memory is to control the CDT device and to 
yunect them to the computer. When it is in the "0" state, the information 
from the corresponding CDT, even when it is continuously sending information 

to the computer, cannot enter the computer. 
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Tie dot label memory is used to store transmission requests by the CDT. In 

the course of transmitting CDT information, the dispatching terminal receives 

4 group of messages and after checking and finding it has no mistakes, will 
give the protective conditions or send out an execution allowed pulse. When 

it is sent to the interface it is reshaped, i.e., to form a so-called “dot 
label."" It can be seen, the dot label is actually the label of the request 
message sent by the CDT to the computer and entering the computer. After 
reshaping, it becomes narrow, and it must be stored in the memory. Therefore, 
when the dot label corresponding to the kth CDT is "1" in the memory, it means 
that at this time, there is a group of messages from the kth CDT requesting to 
enter the computer. But at this time, the computer cannot immediately respond 
to the reqauest by that CDT. This is because it is possible that many CDT have 
sent requests simultaneously. Under this situation, the computer cannot simul- 
taneously receive the messages from that many CDTs, it can only receive the 
message from one CDT at a time. Therefore, after the dot label memory has 
stored the request label of the CDT, the request will wait for queuing. 





Since the CDT data is waiting in the interface to be transferred to the com- 
puter and at the same time it also sends a label to the computer to request 
for processing, then how can the computer know that there is such a request 
and carry out corresponding processing? 


The simplest way is that the computer conducts a "row call" of the possible 
requesting sources. This is querying their status at fixed intervals to deter- 
mine whether they have any requests. If a certain CDT has a request, then when 
the mainframe carries out a row call, the queuing memory that responds is 
immediately set to "l"'. This indicates that that CDT has joined the queue. 

{t only this CDT joins the queue, undoubtedly it will receive the right to be 
processed. If many CDTs join the queue simultaneously, then they are processed 
according to a preset priority order. We used the hardware queuing logic in- 
stead of software methods to realize priority ordering, therefore we simplified 
the software and conserved processing time. 


(2) Digital Code Merging Circuit 


This interface is designed according to the 16 CDTs. Each CDT allows a maximum 
of 164 code lines. If the 16 code lines of each CDT are all directly connected 
to the peripheral code bus, then the lines will be more complex, and the 
structure will be cluttered. The method we used is to combine all the CDT 

code lines into a group first before they are sent to the DWX of the peripheral 
code bus, forming a so-called "CDT code bus" of 16 code lines, then connecting 
them to the DXw. 


In the actual circuit, the merging circuit consists of a series of NAND gates. 
They correspond and are connected to each of the CET code lines respectively. 
[he open gate condition is the "TH" electrical potential of the station number 
produced by that CDT in queue. This condition is unique at any given moment. 
Because the queuing logic has determined that at any moment, only one CDT is in 
queue, therefore simultaneous occurrence does not happen. In general, this 
means: the data of the CDT in queue can enter the CDT code bus while the 
remaining data are waiting at the gate. After the computer finishes processing 
the request of this CDT, the electrical potential of the corresponding station 











pet 


number is cleared, and thus the input gates corresponding to this CDT on the 
CDT code bus {s closed. 


(3) Address Forming Circuit 


To clearly recognize at any given moment to which group of which CDT the data 
transferred to the computer belong, the electrical potential of the station 
number and the group number of the CDT must directly form an internal memory 
address needed by DMA (direct memory access) directly at the interface. 
Obviously, the basic requirement of this address forming circuit is accuracy. 
Before entering the interface, the station number and the group number and its 
content (digital codes) are consistent. After they enter the computer, they 
must also guarantee that the data written into a certain unit of the internal 
memory and the address of that unit are consistent. 


As long as we carefully study the counting method of internal address and the 
CDT group number, it is not difficult to find out their internal consistency: 
They are both binary counting. Therefore, as long as the group codes of the 
CDTs are merged, and as long as we use the electrical potential TH of the sta- 
tion number as the gate opening condition, we can form a group of common CDT 
address buses Wdx. This interface is designed for accepting group code lines 

of a maximum of 5 digits per CDT unit. Therefore, the CDT group code bus formed 
is also 5 digits. The counting range in the decimal system is from 0 to 3l. 


Yet the 5-digit group codes can only form the lowest digit in the internal 
address. It can only differentiate the group number but it cannot differentiate 
the station number. For this, we still must utilize the electrical potential TH 
of the station number to form addresses for higher digits (the 6th to the 9th 
digit). 


We should also point out that the internal address code of the DJS-6 computer 
has a total of 16 bits, and here we have only formed 9 bits, what about the 
high 7 digits? It is very simple. If we have determined the true address in 
the internal memory where the CDT data have been stored, the high 7 digits can 
be permanently connected by hardware. Later, if we "move'’ the CDT data bank, 
we only need to change the connections. 


4G. Interface of the Screen 


The color CRT is a very important terminal equipment for on-line application 

of the computer. The dispatcher can directly view and grasp the real time 
operation of the power system through it. Also, it is a powerful tool in link- 
{ng the dispatcher and the computer. The CRT units we added were the SDX-2 
model color CRTs developed by the Nanjing Automation Institute of the Ministry 
of Electric Power. 


The main channel linking the computer and the CRT is the CRT input and output 
bus. The content of the graphic memory of the CRT and the keyboard codes are 


all sent to the peripheral code bus DXW via the CRT input memory SrJy -- SrJis» 


while the codes sent by the computer to the CRT all pass through the code bus 


DX. ~-DX, ,, and then they are sent to the output memory ScJy ~“ScJ) « of the 
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CRT. Therefore, when designing the CRT interface, the problem is very simple. 
When the CRT transmits data to the mainframe, only one execution command "screen 
send to B" is needed and the codes in SrJ can be sent to DXW. When the main- 
frame sends data to the CRT, executing one "B send to screen" command will send 
the codes via DX to the ScJ input end of the CRT. At the same time, an ScJ 
receiving pulse is produced at the interface and the codes are entered into 

ScJ, and that receiving pulse triggers the decoding time sequence of the CRT. 

At this time, the CRT can work off-line. 


[IIl. Conclusion 


Practice in improving this DJS-6 computer of our station has proven that the 
improvements are successful. The interfaces for the newly added peripheral 
equipment have also been reliable and stable during two years of test operation. 
Because we used the standard insert boards of the original DJS-6 computer in 
designing the interfaces (already welded parts which have also passed inspec- 
tion tests), therefore we greatly reduced the amount of work and the interfaces 
could be used on the cards of the mainframe, thus reducing the amount of main- 
tenance work. 


rhe practice over the past two years has also proven that it is not only feasi- 
ble to change the originally available off-line computer to an on-line operating 
computer, it is also very meaningful. More work can be done by spending less 
money. We only spent a small amount of investment to enable the computer that 
originally had a very low utilization rate to begin power network monitoring 
ind control. At the same time, this also shows that the DJS-6 computer does 
have a very strong life force for on-line operation at the dispatching center 

1 power network. This is mainly because it has a relatively large internal 
ind external memory resource, a relatively strong instruction system and inter- 
rupt system, and a very strong floating point computational function. At the 
same time, it also has a realtively strong real time processing ability. It 

in, over a fairlv long time in the future, satisfy the requirements of a dis- 

hing center that requires a good real time response and the ability to 

pertorm a large amount o* complex on-line computations. In particular, the 


Ty I | . l ep y lavas ] ’ . -o tae) , mh 
DJS-6 LI model that had recently been developed successfully, has a much 
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improved performance and price ratio and it can satisfy the requirements of mid- 
term plans for comprehensive automation of dispatching. Therefore, we are pre- 
pared to exert further efforts to use the present DJS-6 computer well and to 
continue to perfect the hardware and software, and we will especially exert 
ettorts to do the work of developing software well so that it can make new 
contributions in production. 


Betore concluding this article, we like to take this opportunity to thank the 
Dispatchi Center of the Guangdong Provincial Power Bureau which has helped 
us duriny the course of our work. 
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